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(Specify Air or Sea Pouch) 


CONFIDENTIAL 1 

flfsr.; 195? 


25X1 A6a 


to : Chief, FE 

ATTN; HE&C,0L 
from : Chief, ■■ 



DATE. 


25X1 A6a 


SUBJECT 


general- Support/Admirdstrative 

specific- Dehumidified Warehouse - Building #110L 


ACTION EEQUIEED: For information only 


25X1 A 


25X1 A 


1* Prior to his departure from Headquarters, the present 

was requested by RE&C Division representatives* 


fV CtD A UCAA XUJKOJ JL/XVJLOJ.UX1 COCllVOUAVCiJ 

to submit certain information concerning the dehumidified warehouse,.?. C7KBC Q 
Building #110lu This information is as follows: 

DC/BEC 

a. Normal humidity maintained? (_ 


Uh% 

b, Number of units installed? 
One 

c. Catalog No. of unit? 


C/ACQ. 

, C/C.E. 
i. C/U.fi. 
REPO*? 


DOE 1050 - Desomatic Products Inc. 

d. Number of units required for normal operation? 

One 

e. Average or approximate time required to lower warehouse 
to normal operating conditions? 



Warehouse contents and high outside humidity (average 78$) 25X1 A6a 

prohibit on-off operation. The unit is in constant operation* 
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f. Period of regeneration/ 
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f. Period of regeneration for unit? 


8 NOV 1951 


70 minutes maximum capacity, 
g. Approximate power required for operation of unit? 
Connected full load is K*W, 


h* Cost of installation? 

$10,200 paid by contractor for the unit* 
i* Operating difficulties or problems? 

Excellent results have been obtained with /this unit* 'We 
have experienced no mechanical trouble* Maintenance is easily applied 
and minor electrical difficulties are our only problems* 

j* Miscellaneous comments: 

It is recommended that for future installations the unit be 
isolated from the general storage area by partitioning of grillwork, 
hardware cloth, etc* Adequate lighting (permanent wall fixtures) for 
servicing such units would be advantageous* 


2* Additional information will be provided upon request. 



5 November 1957 


Distribution: 

2 - Chief, FE 
^ 3 - EE&C,OL 
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